1 


Existing Building ground bus 


EXISTINC FED"-RAL PACIFIC, 1600A ALUM. —ROUTE 8£LOW EXIST 
PAIRED PHA?"- BUSWAY TO REMAJN. / WIRING TROUGH 


■TRANSITION BOX 
(TYPICAL) 


PE #6 


5-4" CDTS. 4-500MCW 
& 1-4/OKCMH. GND WIRE, 

COi^OlTS TURNING™- 
OOWNCTYP) 


PE #8 


CONDUITS TURNING 


P£ #9 



A.2) 90" OFFSETS (DOWN 
IN ELEVATION) 


■TIE NEW BUSWAY 
INTO EXISTING 
SWITCHBOARD 



PARTIAL PLAN 41st. FLOOR SOUTH 


5-4" CDTS. 4-500KCMIL 
4c 1-5O0KCWSL GND. WIRE, 
SUPPORT CONDUITS 
UTILIZING KINDORF 


PULLBOX. SIZE AS REQUIRED 
PER CODS 


SECURE TO 
BUILDING 
STRUCTURAL 
BEAMS. SEE 
OETAIL DWG. 
#E-24 tc 
ARCH DWGS 


CXISTING HIGH VOLTAGE 
FEEDER— - ™- 


2000A, COPPER FEEDER 
BUSWAY, SEC GENERAL 
MOTE #6. OWG E-1 

TRANSITION BOX 


TIE INTO EXISTING SWITCHBOARD 
BUS. PROVIDE NEW BUS DETAIL 
AS REQUIRED 


(2) 90" OFFSETS (DOWN 
IN ELEVATION) 


2000A, COPPER FFEOER 
BUSWAY, SEE GENERAL 
NOTE #6. DWG E-1 


SEE ARCH DWG-S 
FOR ACCESS PANEL 
DLTAIL 


tx>3Pu-.G TRANSFORMER 
1500KVA 13.8KV- 


EXISTING 480/2 7 7V 
SWITCHBOARD, 


SECTION A-A 


I 1 


NOTES: 

J SEE DRAWING E-1 FOR BUSWAY SCHEDULE St GENERAL NOTES 

: TRANSFORMERS & SWITCHBOARDS WILL BE UVE DURING INSTALLATION 


SEE RISER DRAWING E-9 & 
DWG E-8 FOR CONTINUATION 

UP TO CABLE SUPPORT 
BOX ON 45TH FLOOR 

S-4" CONDUITS, 4#500KCUii & 
)#4/0 GND WIRE. 

TO RESPECTIVE CABU 
TOP 80X 


CABLL SUPPORT 
BOX, NEMA TYPE 4. 
36TX3S"X16'D W!TH 
COVEPS OH FRONT 
AND !*ACK 


5-4' CONDUITS. 4§5O0*Cuil ft 
1#4/0 GND WIRE 


KINDORF 
PANEL 
SUPPORT 


EXISTING 
CONDUITS 
TO REMAIN 



NEW 4" 
CONDUns 


KINDORF 

PANEL 

SUPPORT 


ISKVA FLOOR 

MOUNTED 

TRANSFORMER 


SECTION C-C 


Shaft & 

ELEC, CL 
AREAS 


1 


ONE WORLD 
IBAC£ 

{TOWER A) 


TWO WORLD 

IRACE 
(TOWER 8) 


t 

® 


SUBSTATION 

5S-4IS 


SECTION B-B 


SU RISER DWG L-9 & 
DWG E~8 FOR CONTlNUATiON 


Shed 


Z4- 




EDWARDS andZUCK, P.C. 

CONSULTING ENGINEERS 
3 JO W*tt *2*J S^mI, Nm YorK NY 10O36 
212-730-3400 

©iW2 tdxaOi. ood Z*c\.P £ 



3/13/01 Dimes ofKcoont 


No Dot* RoiSkxi 


Approved 



Title 

LOW VOLTAGE DISTRIBUTION 

ONE WTC 

EL ECTRICAL 
41ST FLOOR 

SOUTH SIDE 
BVi & RISER CABLE LAYOUT 
{SUBSTATION SS-41S) 


All inventions, ideas ana nvi 

herein are reserved i® Q&ti Autnorttv 

">0* I'll (*" 'jled w.'1f... .j» «J;'fBr » 


Dale '0 '4/^ 


Conlrqt ! Nur»;>r? 


WTC-804.041 E-7 


